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Abstract 

Introduction. Improving the calculation methods of mechanical engineering facilities is an urgent and in-demand task. 
This fully applies to the techniques of calculating the strength of all-welded gastight boiler structures. Normative 
calculation techniques are based on simplified models that give limited possibilities for optimizing these structures. The 
low calculation accuracy inherent in such techniques is unacceptable under real design conditions, when an engineer is 
faced with the task of developing competitive structures in a short time, i.e., reducing metal consumption while providing 
the strength of these structures with limited development time. The use of simplified models was justified in the past, 
under conditions of insufficient development of computer technology. Application of the most advanced techniques based 
on computer modeling makes it possible to increase the accuracy of calculations, provide the optimization of such 
structures, and improve the quality of design. The objective of this study was to develop a new special procedure for 
calculating the strength of all-welded gastight structures based on computer modeling, using the most advanced methods 
of modeling the membrane wall and factors affecting it. The accompanying task was to verify the developed procedure 
based on comparing the results of calculations using the developed technique and the normative method. 

Materials and Methods. The developed technique is based on the replacement of the membrane wall with an orthotropic 
plate or shell. Computer modeling was used applying the finite element method of all-welded gastight structures, and the 
impacts to which they were subjected during operation, as well as an effective method for assessing the technical condition 
of these structures. 

Results. A new two-stage technique for calculating the strength of increased accuracy of all-welded gastight boiler 
structures was developed and patented. The calculation results were compared according to the proposed procedure and 
the normative method. It was shown that the proposed technique made it possible to increase the accuracy of modeling 
and calculation. The error in calculating all-welded gastight structures of a high-power boiler was reduced by more than 
30% for the recommended steps between stiffeners. For specially reinforced membrane walls with steps exceeding the 
permissible values, the error reduction reached 70% or higher. 

Discussion and Conclusion. The developed technique is used in the modeling and calculation of all-welded gastight 
structures. Its application makes it possible to optimize the step between the stiffeners of the structure of the support and 
connecting nodes of gastight membrane walls. Based on the results of the application of the two-stage calculation 
procedure, new designs were developed and patented. The developed technique has been used in the real design of boilers 
since 2014. 
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AHHOTalna 

Beedenue. CopepiicHcTBoBaHHe pacuéTHbIX MeTOHK OObCKTOB MalIMHOCTpoeHHA — aKkTyaJIbHad HU BOCTpeOoBaHHaA 
3aqaua. B momHOH Mepe 3TO OTHOCHTCA HM K MeTOMKaM pacuéTa Ha IpOU4HOCTb IebHOCBapHbIX Ta30IJIOTHBIX 
KOHCTpyKUMi KoTIOarperaToB. HopMaTuBHbie pacuéTHbIe MCTOAMKH OCHOBAaHbI Ha YIPOWGHHBbIX MOJeIAX, HMCIOWIHX 
OrpaHHYeHHble BOSMOXKHOCTH JIA ONTHMM3aMM ITUX KOHCTpyKuMM. Hu3kadq TOUHOCTA pacuéta, IpHcyulad TaKHM 
MeTOJUKaM, HelIpHeMJIeMa B YCJIOBHAX PeasIbBHOTO IPOeKTHPOBAHHA, KOra Mepey MHKeHEPOM CTOAT 3aa4n paspaooTKH 
B CKATbIc CPOKH KOHKYPCHTOCHOCOOHBIX KOHCTpyKUMH, TO eCCTb CHWKeHHA MeTaJIIOEMKOCTH pH obecreyeHHu 
IIpOYHOCTH ITHX KOHCTpyKUMM HW OrTpaHH4eHHOM BpeMeHH pa3paboTKH. Ucnomb30BaHHe yiIpoueHHbIx MOJeNeH OBO 
ompaByaHo B TIpOWWIOM, B YCJIOBHAX HeJOCTaTOUHOTO pa3BHTHA KOMIIbIOTepHOM TexHuKH. IIpumMeHenHve HanOosee 
COBEPUICHHBIX Me€TOJMK, OCHOBaHHBIX Ha KOMIIbIOTEPHOM MOJCJIMPOBaHHH, MO3BOJIACT MOBbICHTb TOUHOCTb pacuéTos, 
oOecre4YHTb ONTHMH3alMI0 TaKHX KOHCTPyKUHi, YIy4UINTb KayecTBO mpoekTupoBanna. Lemp aHHoro 
YiccIeqOBaHHa — pa3paOoTKa HOBOM CielMasIbHOM MeTOAMKH pacuéTa Ha MPOYHOCTS IeIbHOCBapHBIX Ta30IJIOTHBIX 
KOHCTpyKUMi, OCHOBaHHOM Ha KOMIIbIOTepHOM MOJeIMpOBaHHH, C IpHMeHeHHeM HaMOosIee COBeEPUICHHBIX MCTOAHK 
MOJeIMpOoBaHHa MeMOpaHHoro 9KpaHa MH *akTopos, BoO3sAelCTBYIOWMX Ha Hero. ConmyTcTByIolet 3afa4ueli aBTOpoB 
CTaTbH ABJIANIACh BEPHPUuKaluA paspadOoTaHHOM MeTOAMKH Ha OCHOBEe CpaBHeHHA Pe3yJIbTATOB pacueTOB C IIpHMeHeHHeM 
pa3pa0oTaHHO MeTOAMKH H HOPMaTHBHOrO MeTOLA. 

Mamepuanoi u memoodoi. PaspadoTaHHad MeTOAHKa OCHOBaHa Ha 3aMeHe MeMOpaHHoro 9KpaHa OpTOTpOMHoH 
TWIacTHHOH vWIM OOon0UKO. Ucromb30BaHbl KOMIbIOTepHOe MOseMpoBaHHe C MIpHMeHeHHeM MeTOJa KOHCYHBIX 
QJIEMCHTOB ICJIbHOCBapHBIX Ta30IJIOTHBIX KOHCTPpyKUHMM MW BO3eHCTBHM, KOTOPbIM OHH TOABepxKeHbI B Mpotecce 
SKCIIyaTayun, a TakxKe 3*(eKTHBHBIM MeTOA OLWCHKH TEXHHYCCKOTO COCTOAHHA STHX KOHCTpyKUHH. 

Pe3yismamoet uccnedoeanua. Pa3spadoTaHa HOBad JBYX3TalHad MeTOAMKa pacuéTa Ha MpOYHOCTb LWesIbHOCBapHBbIX 
Ta30MWIOTHBIX KOHCTpyKUMM KOTIOArperarTos, MOJYYMBIat WaTeHT Ha u300petenne. IIpopeyxeno cpaBHeHHe pe3ysIbTaTOB 
pacyéTosB mo mpeszoxeHHOM MeTOAMKe HM TO HOpMaTHBHOMy MeTogy. Iloka3aHo, 4TO MpesOwKeHHat MeTOMKa 
MO3BOJIA€T MOBbICHTb TOUHOCTh MOJeMpoBanua u pacuéta. IlorpemiHocTb pacuéta WebHOCBapHBbIxX Ta30IJIOTHBIX 
KOHCTpyKUHMi KOTIAa OObUIOM MOUIHOCTH CHYKeHa Oosee 4em Ha 30 % AIA peKOMCHAOBaHHBIX WaroB MexKTYy WoAcaMu 
xecTKocTu. Jia NoAKpenéHHbIx cCielMabHbIM OOpa30M MeMOpaHHBIX 9KpaHOB Cc WaraMH, MpeBbIWalolujuMu 
JOMYCTHMBIe 3HaveHHA, CHYDKeHHe MorpeliHoctTu ZocTuraet 70 % u BBILIUe. 

O6cyotcoenue u 3akio4uenue. PaspadoTaHHad M€TOAMKa MCIOJb3yeTCA IPH MOJeIMpOBaHHH UM pacuéTe WebHOCBapHBIX 
Ta30MJIOTHBIX KOHCTpyKuMH. IIpumMenenve ee MO3BOIAeT ONTHMVM3HpOBaTb War MexKY MOACAaMH 2KeCTKOCTH 
KOHCTPyKUMH OMOPHBIX H COCMHUTEIbHBIX Y3IOB Ta30IWIOTHBIX 3KpaHos. Ilo pe3sybTaTaM MIpHMeHeHHA AByXITANHOH 
pacuéTHOH MeTOAUKU OBLIM pa3spaOoTaHbI HOBbIC KOHCTPYKIMH, MOYYMBLINe MaTeHTbI Ha H300peTenuaA. PaspadboTaHHaa 
MeTOJHKa IIpHMeHACTCA B peasIbBHOM IIPOCKTHPOBAHHH KOTIOarperatTos c 2014 roza. 


KosrroueBble cJI0Ba: KOTJOarperaT, UWCJIbHOCBapHbIe Ta30WJIOTHble KOHCTpyKUHH, MeMOpaHHEIe SKpaHbl, WIacTHHbl, 
o0o00UKH, OpTOTPOTIHbIle WlacTHHbl, MATCMaATHYUCCKOC MOJCIINPOBaHHe, MCTO], KOHCUHBIX SJICEMCHTOB 


BaarogapHocrn. ABTOpBI BbIpaxKaroT OaroqapHOcT petakWHv U peleH3eHTaM 3a BHHMAaTeCJIbBHOe OTHOMICHHE K CTaTbe 
MW yYKa3aHHble 3aMC4aHHA, KOTOPble NO3BOJIMJIM NHOBbICHTb Ce KadecTBO. 


Aaa wnTupopanua. Kypenun M.II., CepOunoscxuit M.IO. I[pumMenenne crenMambHbIxX pacuéTHBIX MeTOJMK IIpH 
IIpOCKTHPOBaHHM IeIbHOCBaPHbIX [a30NJIOTHbIX KOHCTpyKUM KoTIOarperatoB. Advanced Engineering 
Research (Rostov-on-Don). 2024;24(1):48-—57. https://doi.org/10.23947/2687-1653-2024-24- 1-48-57 
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Introduction. The normative technique of the strength calculation of all-welded gastight structures! is based on 
replacing the screen with a structurally orthotropic Kirchhoff-Love plate with considerable simplifications. In this 
model, the orthotropy of the plate properties is taken into account only when calculating bending forces. The major 
objective of the introduced simplifications is to reduce the complexity of calculation formulas and, ultimately, the 
overall complexity of calculations. The models underlying the technique include a gastight screen in the form of an 
orthotropic plate, stiffener rings in the form of constant-section beams, and fasteners in the form of connections 
between the wall and the stiffener rings. 

The following assumptions are made in the model’: 

1. The orthotropy of the gastight wall is taken into account by introducing ratio D, / D, when calculating the bending 
moment WM, for an isotropic wall with cylindrical stiffness in a section perpendicular to pipes D,, and in a section parallel 
to pipes D.. 

2. When determining stresses at the midpoint of the panel, there is a hinged connection of the gastight screens to each 
other in the screens of the all-welded box, since the fastening condition affects the nearest 6-8 pipes from the fixing point. 

3. When determining the stresses in the corner of an all-welded box, there is pinching. 

4. The action of two groups of forces is considered: active (boost and “buckling’”’) and reactive (emphasis on 
stiffener rings). The remaining impacts (from the internal pressure in the pipes, weight and temperature factors) are 
determined independently and taken into account at the stage of assessing the technical condition by the superposition 
of forces method. 

5. The calculation is based on the principle of assessing the structural strength by bearing capacity, which is 
determined by the limiting state of the transition of the most loaded section from an elastic state to a plastic one. The 
calculation is performed according to a conditionally elastic scheme. 

A significant disadvantage of this scheme is the use of simplified models that do not fully take into account the 
reinforcing, attached and other structural elements, their cross impact, as well as the effect of all influencing factors 
causing a complex stress-strain state of the membrane wall. This technique has limited modeling capabilities, specifically 
for membrane walls of complex shape, for which it is not applicable. 

There are limits to the application of normative calculation formulas, constraining them due to design or loading 
features*. For membrane walls, standard calculation formulas are not applicable for any cross-sections, except for a pipe 
with a flat spacer. They are not applicable for membrane walls of complex shape. The maximum step size between 
stiffener rings is limited. It is noted in the normative technique that it is allowed to use other methods of calculating the 
strength of all-welded membrane structures, subject to providing the normative strength reserves. The technical 
regulations of the Customs Union enable using a number of calculation methods in addition to regulatory formulas, 
including computer modeling‘. In regulatory documents, the strength calculation techniques that go beyond the 
application of regulatory formulas are called alternative, or special. In connection with the above, the objective set by the 
authors of this article — to develop a new special method for calculating all-welded gastight structures using computer 
modeling, which allows for high accuracy and reliability of modeling and calculation results — seems highly relevant. 

In the papers of Russian authors, models have already been proposed in which the membrane wall is replaced by a 
statically indeterminate frame. Special calculation methods are successfully used to assess the strength and resource of 
elements of boilers and power plants [1]. In the studies devoted to the calculation of gastight membrane walls, it is noted 
that the methods based on the use of modern achievements in the area of numerical methods using computer modeling 
are promising [2]. 

Recent studies on boiler membrane walls include the works of MiloSevic-Mitié [3], Nagiar [4], Serti¢ [5], who 
proposed a method for calculating boiler strength and determining temperature displacements and loads of supports based 
on the Kirchhoff-Love theory and computer modeling using the finite element method (FEM) [6]. However, this technique 
is characterized by an increased error due to the application of significant simplifications in the membrane wall model 
(e.g., pipes are replaced with absolutely rigid bodies) [7]. The method of reverse transition from the plate to the wall and 
assessment of its technical condition has not been proposed [8]. 


‘RD 10-249-98. Calculation Standards for the Strength of Stationary Boilers and Steam and Hot Water Pipelines. URL: 
https://docs.cntd.ru/document/1200021653 (accessed: 15.12.2023) (In Russ.). 

? RTM 24.031.06-73. Calculation and Design of Fastening Elements of the Wall System of Boiler Units with All-welded Panels: Technical Guides. Leningrad: RIO 
NPO TsKTI; 1974. 39 p. (In Russ.). 

3 GOST 34233.1-2017. Vessels and Devices. Norms and Methods of Strength Calculations. Moscow: Standartinform; 2019. 30 p. (In Russ.). 

*CUTR 032/2013. Technical Regulations of the Customs Union. On the Safety of Equipment Operating under Excessive Pressure. URL: 
http://docs.cntd.ru/document/49903 1170 (accessed: 15.12.2023) (In Russ.). 
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High calculation accuracy was obtained through modeling membrane walls based on the general mechanics of a 
deformed solid and measurements in numerical experiments with accurate solid-state models of the screen [9]. Effective 
methods for modeling loads [10] acting on all-welded gastight structures have been proposed, which make it possible to 
increase the accuracy and reliability of modeling these structures [11]. 

In general, modeling membrane walls using orthotropic plates is relevant if we take into account the complexity of 
modeling and calculating membrane walls with many pipes and spacers using traditional solid-state computer simulation 
techniques, for which there are strict limitations. These restrictions deal with the relative dimensions of the height of the 
solid-state element to its length and width, which cannot exceed ' (aspect ratio metric [12]), with a ratio of membrane 
wall thickness to its width of 1/400 or more. 

When developing the new technique, the following objectives were set: increasing accuracy, reducing the complexity 
of modeling and calculation, reducing the time of computational operations during optimization and evaluation of 
strength, rigidity, stability, and durability of structures. It is known that membrane walls operate under conditions of 
complex resistance and are simultaneously exposed to external forces, moments, pressure or rarefaction from the inside 
of the boiler, pressure in pipes, an uneven temperature field, taking into account the cyclic effect of these parameters and 
creep of materials at high temperatures. An additional, but rather important task of this development was to create a 
convenient tool for cyclic optimization of the structure, which includes visualization of the results of making changes to 
the structure in the form of stress, strain, and displacement fields. 

Materials and Methods. The technique proposed by the authors involves replacing the membrane wall with an 
orthotropic plate or shell. The membrane wall has a regular structure and a section that periodically changes in the 
direction perpendicular to the pipes. Such a membrane wall can be considered as a structurally orthotropic plate, i.e., a 
plate in a flat stressed state with elastic characteristics that differ in mutually perpendicular directions. The membrane 
wall is a plate, and the bent screen is a shell since the diameter of the pipes, which determines the thickness of the screen, 
is small compared to its other dimensions. The structural elements of a gastight boiler, which can be represented as 
structurally orthotropic plates, are, first of all, membrane walls of the furnace, the transition flue, the convective shaft of 
the boiler, and membrane superheaters. 

The authors previously developed a two-stage modeling and calculation technique for all-welded gastight structures, 
which received a patent for the invention [13]. It is based on the replacement of the membrane wall with an orthotropic 
plate or shell, reliable modeling of all-welded gastight structures and the impacts to which they are exposed during 
operation, and on an effective method for assessing the technical condition of these structures. Through the developed 
technique, there are opportunities to optimize structures and reduce their metal consumption [14], which have not existed 
before. New designs are worked out, the complexity of design is significantly reduced [15]. The problem of assessing the 
technical condition of boiler structures containing membrane walls is solved by applying the most advanced modern 
practices based on achievements in numerical modeling. 

The method of calculating the strength of all-welded gastight structures consists of two stages. At the first stage, a 
model of a box structure with screens in the form of orthotropic plates and/or shells is formed with a preliminary 
calculation of their dimensional and physico-mechanical characteristics. The attached elements, including pipe connectors 
with headers, festoons, stiffener rings, various fasteners, supports, reinforcement elements are modeled in the form of 
rods, shells, connections, and boundary conditions. Then, local zones of orthotropic plates and/or shells with increased 
displacements and deformations are determined, and the technical condition of the attached elements is assessed. At the 
second stage, models are formed for places with exceeding the specified parameters, in which local zones of screens with 
attached elements with increased displacements, stresses, and deformations are modeled by solid-state elements 
(submodeling of local zones [12]). Conditionally elastic analysis is carried out. Health assessment in critical sections is 
provided according to static strength conditions and optimization of the structure. 

Research Results. The calculation of all-welded gastight boiler structures with a steam capacity of 810 tons of steam 
per hour (TPE-360/T model) with dimensions of 14.48x14.24 m was performed. In the course of the work, the authors 
compared the calculation results using the proposed procedure and the normative method. 

Initial data for the calculation: the boiler membrane walls were welded from a 606 mm pipe of steel 20 with flat 
spacers 80 mm wide, made of sheets of steel 20 with a thickness of 6 mm. The membrane wall was exposed to heating 
from a furnace with a cooling medium in pipes with the following parameters: 16.3 MPa, 349°C (Fig. 1). The calculation 
was carried out for buckling 3,000 Pa and emergency rarefaction 5,000 Pa. 
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Fig. 1. Initial data for the calculation: heat flow perceived by the screen surface 


The calculation was carried out in accordance with the requirements and formulas of normative documents 
(“Calculation standards for the strength of stationary boilers and steam and hot water pipelines”, “Calculation and 
design of fastening elements of the screen system of boiler units with all-welded panels”, “Technical Regulations of 
the Customs Union”). 

The permissible step between the stiffener rings, according to the calculation results, is 4,012 mm at the furnace level 
and 4,050 mm in the upper part of the furnace at marks 16.8 and 50.6, respectively. 

The calculation of the boiler box using the technique presented in this paper was performed in two stages. The model 
of the first stage included gastight screens of a furnace, a convective shaft, a gas reversing chamber, an aerodynamic nose, 
and a ceiling superheater, made in the form of shells with elasticity parameters calculated using numerical methods [9]. 
The stiffener rings, festoons No. | and No. 2 with suspensions, suspensions of boiler screens, wall superheater were 
modeled with beam-rod elements (Fig. 2). When comparing the results of the two calculations, it was reported that the 
problem areas of the structures, determined by the first stage of modeling, converged with the design points of the standard 
calculation: in the middle of the screen under the stiffener rings (point No. 1, Fig. 2 C), in the corner of the furnace 
between stiffener rings (point no. 2, Fig. 2 B). At the same time, the new technique based on a more advanced model of 
the boiler box made it possible to take into account the following technical solutions applied in the design of the boiler 
box and aimed at optimizing and strengthening it: design of corner bracing in the form of lever mechanisms that allow 
the force to be transmitted strictly along the axis of the adjacent screen; intermediate fasteners reinforced with combs- 
ribs, providing free thermal expansion of the screen; longitudinal ribs under the stiffener rings in places where the standard 
values of the steps between the stiffener rings are exceeded [15]; special designs of stiffener rings [16]; angle brackets; 
seal boxes]. In addition, the model made it possible to take into account the effect of a wall-mounted radiant superheater 
(attached to the screens through welding), festoons, stiffen boxes, and other structural elements. 


Kurepin MP, et al. Application of Special Calculation Techniques in the Design of All-Welded Gastight Structures of Boiler Units 


Fig. 2. Calculation of the boiler box of TPE-360/T model according to the developed technique: 
A — shell-rod model (first stage of modeling); B — solid molel of the box corner (second stage of modeling); C — solid molel of 
the midpart of the screen under the stiffener (second stage of modeling) 


The model includes structures of a ceiling superheater, an aerodynamic nose, a convective shaft, a gas reversing 
chamber, and other elements, whose technical condition is difficult to assess using the normative technique due to its 
limitations. The permissible step between the stiffener rings, according to the calculation, is 4,500 mm at the furnace 
level, and 6,000 mm at the top of the furnace, which is higher than the values obtained through the normative technique. 

Thus, it can be concluded that the impact of design solutions aimed at optimizing and strengthening the boiler box 
(without increasing the number of stiffener rings) is significant. The results of the calculation according to the normative 
technique, which does not allow taking into account these decisions, are excessively conservative. The calculation results 
using the proposed method are more reliable, as they enable us to fully take these decisions into account. 

A comparison of the calculation results obtained through different methods was carried out at two characteristic points 
of the structure specified in the normative technique: point 1, for which the influence of attached and reinforcing elements 
is minimal, at the calculated point 2, for which the influence of reinforcing elements is most significant (Table 1). 
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Table | 
Calculated stresses in screen sections according to the normative and new technique, MPa 
Design section, mark, m 16.8 50.6 
Permissible stresses in the cross section of 1—2 screen, MPa 149.8 152.6 
Permissible stresses in the cross section of 5—6 screen, MPa 158.4 161.8 
Calculated combination of loads: weight, overpressure in pipes, buckling in the furnace space 
Setting-out point according to the requirements of the normative * 7H re aH 
technique 
Equivalent stresses in the cross section of 1-2 soreen according 1193 121.7 1414 145.9 
to the requirements of the normative technique, MPa 
Equivalent stresses in the cross section of 5-6 soreen according 10.4 970 21.9 175.9 
to the requirements of the normative technique, MPa 
Equivalent st in th tion of 1-2 i 
quivalent stresses in the cross section 0 screen according 135.6 109.2 149.0 1144 
to the requirements of the developed technique, MPa 
Equivalent st in th tion of 5— i 
quivalent stresses in the cross section 0 5-6 screen according 18.1 55.4 774 92.8 
to the requirements of the developed technique, MPa 


Calculated combination of loads: weight, overpressure in pipes, emergency rarefaction in the furnace space 


Permissible stresses in the cross section of 1—2 screen, MPa 199.8 203.5 


Permissible stresses in the cross section of 5-6 screen, MPa 217.8 222.5 


Equivalent stresses in the cross section of 1—2 screen according to 


138.6 175.8 183.4 


the normative technique, MPa 


Equivalent stresses in the cross section of 5—6 screen according to 
the normative technique, MPa 


15.6 289.3 


Equivalent stresses in the cross section of 1—2 screen according to 
the developed technique, MPa 

Equivalent stresses in the cross section of 5—6 screen according to 
the developed technique, MPa 


109.0 


125.8 


* in the middle of the wall, between the stiffener rings 


** in the corner of the box 


At point 1, a good coincidence of the results was obtained — with respect to the permissible stresses, the voltage 
difference was no more than 11%. At point 2, the stress difference ranged from 33% for small and medium steps between 
the stiffener rings to 73% for large steps between the stiffener rings. High stress values in all cases were given by the 
normative technique. 

The proposed method and model increase the reliability of simulating the behavior of the structure and the accuracy 
of the calculation. One of the results of the calculations and optimization of the design is the distribution of stiffener rings 
according to the height of the boiler furnace of TPE-360/T model. Table 2 shows the results of calculating the step of 
stiffener rings: 1 — according to the normative technique, without taking into account the design features; 2 — according 
to the calculation results using the developed techniques that provide more reliable simulation of the behavior of the 
structure, taking into account the influence of all its elements, including additional reinforcing elements in the form of 
stiffener rings, etc. 

Table 2 
Calculated and accepted steps between the stiffener rings 


Design section!, m 8.3 | 16.8 | 21.3 | 25.8 | 29.1 | 32 | 36.1] 42 | 50.6 


Maximum permissible step between stiffener rings”, mm 4,012|4,012)3,961|3,974|/3,979|3,971|3,962/4,000/4,050 


The adopted step between the stiffener rings following the 
results of design optimization, mm 

Fulfillment of the strength conditions for the accepted step 
(yes/no) 


2,660/4,500}4,400/4,250)2,700)3,520)3,300)/3,500/6,000 


yes | yes | yes | yes | yes | yes | yes | yes | yes 


1 — mark for the height of the furnace, where 0 — the floor level 


2 — as per calculation according to the normative technique 
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It can be observed that the use of special calculation methods makes it possible to avoid the installation of additional 
stiffener rings for at least two characteristic places of the boiler furnace: at the place of installation of the burners (marks 
from 16.8 to 25.8 m) and at the place of the reversing flue (50.6 m mark). This avoids overspending of metal and 
complication of the structure due to the difficulties of simultaneous placement of burner devices and stiffener rings, and 
elements of the reversing flue. 

An assessment of the metal consumption was carried out. In this case, the weight of one stiffener ring with fasteners 
is on average 3,500 kg. To meet the requirements of the regulatory calculation for the step between the stiffener rings, it 
is required to install at least three additional stiffener rings at the furnace height from 16.8 to 25.8 m and 50.6 m. The total 
metal consumption of such a constructive solution is 10,500 kg. Thus, the use of new special calculation techniques 
provides ample opportunities for optimization and reduction of metal consumption while maintaining sufficient strength 
of all-welded gastight boiler structures. 

Discussion and Conclusion. A new technique for calculating and analyzing the technical condition and optimization 
of membrane wall structures of boiler units has been developed on the basis of modern, most effective methods of 
mathematical modeling of membrane walls with equivalent orthotropic plates, calculation of their geometric and physico- 
mechanical parameters, special loads and impacts inherent in all-welded gastight structures. The use of new special 
calculation techniques provides ample opportunities for optimization and reduction of metal consumption while 
maintaining sufficient strength of all-welded gastight boiler structures. 

The results of verification of the replacement of membrane walls with orthotropic plates were compared to the results 
of field experiments on determining the angles of rotation of the vertices of the ribs under the action of a unit moment. 
They showed that the displacement error did not exceed 14% for shell models implemented through the proposed 
technique. At the same time, solid-state models give an error of up to 10%, i.e., slightly less when the number of finite 
elements of the models is an order of magnitude larger (and the dimension of the model is up to 100 times higher, 
depending on the type of element — linear or quadratic). This modeling error fully meets the requirements of modern 
design, since the errors associated with manufacturing tolerances are in the range of 10-15% of the wall thicknesses of 
pipes, sheets, and the weld leg [9]. 

The significant disadvantages of the normative technique are the scant possibilities for optimizing the design and 
strength requirements in other ways, except for increasing the number of stiffener rings, which significantly increases the 
metal consumption and causes growth of cost. This means that simplified models adopted in the normative calculation at 
the time when computer engineering was insufficiently developed, limit the possibilities of optimizing structures in 
modern design. This necessitates using special calculation techniques based on numerical computer modeling. 

The technique proposed by the authors during the actual design of boiler units has shown its high accuracy and 
efficiency, wide possibilities for optimizing the design, reducing metal consumption under maintaining sufficient strength, 
the ability to significantly reduce the complexity of model formation and machine calculation time. In addition, the 
reliability of behavioral modeling and calculation accuracy of all-welded gastight structures have been increased through 
the use of modern numerical simulation techniques. They provide most accurate accounting of the features of structures 
and their cross impact, and the effect of all influencing factors, as well as calculating screens of complex shape. Through 
the developed techniques, the calculation error has been reduced by more than 30% for the recommended steps between 
the stiffener rings. For specially reinforced membrane walls with steps exceeding the permissible values, the error 
reduction reaches 70% or higher. 

The application of the proposed technique makes it possible to decrease the number of finite elements of models of 
structures with screens by several orders of magnitude compared to similar solid-state models of the screen, reduce the 
complexity of forming models of structures with screens. The time of computational operations in calculating the stress- 
strain state of all-welded gastight structures is significantly improved. And finally, the complexity of modeling and 
calculation is significantly reduced while maintaining sufficient accuracy [13]. 

The authors note that the technique they developed for calculating the strength of all-welded gastight structures is 
generally intended for the use in the design and optimization of thin-walled structures with periodically changing cross- 
section and internal channels in the walls, which can be simultaneously exposed to external forces, moments. In this 
particular case, these are thin-walled structures made of tubular membrane walls of steam and hot water boilers, i.e., all- 
welded gastight structures with all structural elements attached to them, e.g., elements of the support and suspension 
system, fasteners, burners, blast nozzles, etc. 

This technique is implemented on medium-powered personal computers and can be put into practice of real design of 
boiler-building enterprises and design organizations of other branches of mechanical engineering, which use plates and/or 
shells with regularly changing cross-sections. 
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The proposed technique has been used in the real design of boiler units since 2014, including power boilers 
Pp-1030-25.0-570/570GM, E-220-9.8-540GM, E-500-13.8-560G (model TGE-440), PP-1900-25.8-568/568 KT, 
E-540-13.8-560GN (model TGE-225, E-540-13.8-560GN (model TGE-224/S7), E-810-13.8-560BT (model TPE-360/T). 
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